VlTROLITE" 

SPECIFICATIONS 



VITROLITE 

IMCII 'C ai ion » 



VITROLITE 

SPECIFICATIONS 



PUBLISHED IN LONDON BY 
PILKINGTON BROTHERS LIMITED 



BRITISH VITROLITE COMPANY LTD 



CONTENTS 

DESCRIPTION OF MATERIAL page 9 

VITROLITE FLOORS page 10 

FIXING INSTRUCTIONS pages 11- 



CLOAKROO 



LOUNGE AND COCKTA 



RESSING SALOONS 



SHOPS AND CAFES 



XTERIOR USES 



RCASES AND OFFICES 



■1ISCELLANEOUS 



COLOUR CHART. 



REFERENCES AND ACKNOWLEDGMENTS 



CONSTRUCTIONAL DETAILS 

In presenting this publication, 
we should like to point out that constructional details have 
been illustrated and explained wherever it was thought to 
be necessary, but that if any points are not clear or any 
unusual problems arise, which are not dealt with in this 
book, the technical department will be glad to give its 
assistance. 



VITROLITE 



GENERAL DESCRIPTION 



VITROLITE is a Rolled Opal Glass, ranging from semi-opacity to complete opacity. 
One surface is usually impressed with a pattern of narrow parallel ribs, which 
provide a key for the mastic or other material with which the glass is fixed. The 
glass has a hard, brilliant, fire-finished surface. 

THICKNESS 

Coloured vitrolite fc' and / 6 " 

White and black vitrolite only . . A/, ,;.", J", i" 

APPROXIMATE AVERAGE WEIGHT PER SO. FOOT 

Coloured White Black 



1" 



1-2 12 



1 Maximum Manufacturing Sizes 

■fg' and , 7 ,." VITROLITE — 125/140" long X 50/60" wide. 
J" and 1" vitrolite — 100/140" long x 50/55" wide. 

2 vitrolite can be supplied in stock sheets and cut sizes, but ashlar 
sizes are recommended and are less costly to fix. 

3 Ashlar Sizes 
supplied, with edges true ground, in the following 



10'xl5" 



12' 



COLOURS 

vitrolite is supplied in the following colours : — 
Black and White. 
Ordinary Colours 

Green, Eggshell, Wedgwood, Turquoise, Pearl Grey, Green A 
Special Colours 

Ivory, Primrose, Shell Pink, Royal Blue Agate, Walnut Agate 
Golden Agate, Tango and Cadmium Yellow. 

(A colour chart will be found at the end of the book, where in the case of the ag 
a representative piece has been reproduced) 



VITROLITE FLOORS 



GENERAL DESCRIPTION 

A special kind of vitrolite is made for use on floors. Instead of the usual fire- 
finished surface, vitrolite Floor Tiles are finished with a dull, non-slippery 
surface. They make a particularly good floor for bathrooms, etc. Slight v 
in the colour of the tiles gives a pleasing mosaic effect. 



DIMENSIONS 

vitrolite Floor Tiles are -i" thick by if square and are laid to a gauge o 
6 tiles to the foot run or 36 to the square foot. 

COLOURS 

Colours— Black, Green, Turquoise, Wedgwood, Pink, Ivory, White. 
Pressed tiles can also be supplied in clear Cathedral Glass in the following colours- 
Green, Blue, Pink, White and Light Amber. 



"VITBOLITE" is the registered trade mark of The British Vitrolite Company Lin 



FIXING OF VITROLITE 



MEASURING 

It is not necessary to take measurements and prepare working drawings for 
straightforward schemes in standard Ashlar comprising skirting and capping with 
Ashlar filling providing the fixer is capable of visualising the arrangement of the 
joints for each wall prior to commencing to fix. The approximate requirements 
can be obtained from the plan which accompanies the enquiry, and it is advisable 
to include a few extra Ashlars, not exceeding 5 per cent, of the total quantity, as 
spares. 

Difficult schemes should be measured accurately, and the position of all fittings 
must be settled when this is done. The measurer marks a datum line round the 
room at a convenient height and works from this, checking the floor level, 
recording any unevenness and noting the positions of all accessories and fittings 
for which wood fixing blocks should be provided. Passing and butt joints should 
be arranged in such a way as to produce the best effect. 

INTERIOR 

A plumb-true and rigid substructure is essential if the best results are to be 
obtained — Portland Cement screed composed of one part cement to three parts 
sand (without the addition of any Free Lime) provides the most suitable backing 
for vitrolite. It should be applied with a wood float finish as this leaves a better 
keying surface than a smooth trowel finish. When the screed is dry, and not 
before, the area to be covered should be given a coat of Gripon Sealer well brushed 
in, particularly where the depressions occur. Normally one coat of Sealer is 
sufficient, but a second coat may be advisable if the screed is dusty, or if the first 
coat dries dull and patchy. Allow about six hours for the Sealer to dry before 
commencing fixing. As a general guide, half a gallon of Sealer should be sufficient 
for an area of ten to twelve square yards. 

Start fixing with the skirting and see that it is bedded firmly and evenly all round 
the room ; if the floor is not level begin at the lowest point and work towards the 
highest, cutting the rake off the bottom edge to ensure a perfectly level line along 
the top edge. Proceed with the upper courses of panels according to the setting 



out on the working drawings. Brush the ribbed back of each panel with a hard, 
dry brush and see that the vitrolite is clean and dry before applying the mastic. 
Work the Gripon Mastic into a roll about one inch diameter and apply in daubs 
approximately 2" long at intervals of 3" to 4", so that pressure is needed to set each 
panel into position with a rotating movement of the hands ; this will cause the 
mastic to spread and obtain a firm grip upon the wall and the vitrolite, leaving 
a bed of from r :, lT " to \" ■ About 70 per cent, of the back surface of each panel 
should be covered with mastic when it is in position on the wall. As a general 
guide, one cwt. of mastic should be sufficient to fix 8 to 10 square yards of 

VITROLITE. 

The space between the joints can be varied to suit any kind of scheme, but it will 
usually be found that pieces of cardboard about the thickness of a visiting card 
are the most suitable for forming a cushion between horizontal joints ; two pieces 
about i"xj" should be placed at the ends of each Ashlar and set back slightly 
from the face — this prevents the edges from coming together and shelling, it also 
provides a key for the pointing as well as an even joint. Where joints of greater 
width are required a wood or other fillet should be inserted when fixing. 
When decorative strips in the form of narrow bands are introduced horizontally, 
it is advisable to support the panels immediately above on galvanised metal 
anchors, or alternatively, apply a daub of Keenes Cement at both ends of each 
strip in addition to mastic. Either of these methods will prevent the strips being 
pushed out by the downward thrust of the upper panels. 

To guard against panels being pushed in behind the basin and flushing cistern, 
or in any other positions where fittings are to be screwed, apply a few daubs of 
Keenes Cement in addition to the usual amount of mastic. Avoid difficult notches, 
particularly round large fittings ; joints are better and it is a simple matter to 
introduce them without disturbing the balance of the scheme. Square holes should 
also be avoided. 

Bed window sills almost solid and use a little Keenes Cement to keep them firm. 
At the top of the bath and round the tray of the shower, the edges of the VITROLITE 
should be buttered with pointing compound to make the joints waterproof. Point 
all joints with white lead in oil. mixed with a little white oil varnish or gold size. 
If coloured joints are required, add powder pigments or mix with oil colours to 
obtain the correct shade. (Where vermilion or orange coloured joints are required 
Red Lead should he substituted for White Lead.) 



Fill in the space at the top of the dado with a solid ribbon of mastic, and protect 
the mastic bed by running a narrow Keenes Cement fillet from the wall face to 
the back edge of the vitrolite. 

Mirrors can be fixed with mastic flush to the surrounding vitrolite or super- 
imposed on to the face of the vitrolite by means of chromium-plated or 
decorative glass-headed screws. In each case the silvering must be protected from 
the mastic bed and dampness by covering the back with lead foil and one coat of 
paint. All mirrors fixed flush with the vitrolite should have flat polished edges 
which must be perfectly clean before fixing. 

If a Portland Cement screed is not available, it is safe to fix to hard and seasoned 
plaster, and to Asbestos flat sheeting such as Poilite, which should be quite rigid 
and plumb true. The studding should not be more than 14/15 inches centre to 
centre. It is extremely dangerous to fix direct to wood which reacts strongly to 
temperature changes. 

EXTERIOR 

For outside work where conditions are more severe, extra precautions are 
necessary, and it is important that vitrolite, which has less expansion than wood, 
masonry or metal, should not be in direct contact with these or any other structural 
materials. A plumb and true Portland Cement screed as recommended for inside 
work provides an ideal backing for this type of installation. It should be allowed 
to dry before being given a good coat of Sealer, and if the Sealer dries dull and 
patchy, a second coat should be applied. The plinth or stall risers must be set 
upon a cushion of Griponex Mastic and expansion tape or lead strip ; only in 
exceptional circumstances should the bottom edge be allowed to pass below the 
level of the pavement ; in this event adequate provision must be made for free 
expansion of the glass where it meets the pavement by having V space between 
the glass and pavement, which should be filled in with mastic. Apply the Griponex 
Mastic in daubs at 3 "-4" intervals, as for interior fixing, and run a continuous 
ribbon all round each panel so that when it is in position there is little risk of 
moisture reaching the daubs through joints ; butter all edges and place a strip of 
expansion tape betw-een all horizontal joints. 

Protect the mastic bed in all exposed places by fixing metal sections, lead flashings, 
etc., and if the installation exceeds 8 feet in height introduce metal anchors 



or clips underneath every alternate course of panels thereafter 

reco mm e n ded tor surrounds to openings, canopies, copings and other exposed 

positions. It is desirable for panels to pass underneath metal or wood sills or 
behind metal window frames, but in all cases an expansion joint must he provided. 
Installations should he thoroughly pointed up witfa Gripona Mastic. 

CEILINGS 

One ol the undermentioned methods should he adopted : — 

1 ilie ceiling with 'I', i <;. boards, select a class sice aboul 

ding 4 feet super, and separate 

|Uare by a wood fillet which will take the screws lor fixing a 
metal or wood oner head over the joints. 

2 oncrete ceiling exists and cover heads are not desired, nip the 

ofl the panels and secure them by Stsybrite Screws with 

01 large washers fixed a 

wood blocks let into 



(3) Where the vmtoi m is required to span esistii 

the following two alternatives should he adopted .,s ,,, additional means 

mending an additional support is that in the 

■ being broken bj external cans,- ii„ pieces would he retained in 

i put .. thin .usii„„, of 

■ panda with 

led t'.i internal fixm u 

COUNTER TOPS AND FRONTS 

p . 



Treat the wood or scrt 


eded top with a good coat of Gripon Sealer and allow to 


dry before applying the 


mastic. Then set the vitrolite on to the mastic. 


It is advisable to add i 


few daubs of Keenes Cement to prevent the panels from 



being disturbed before the mastic sets off. 

A continuous metal strip or wood fillet can be fixed along the exposed polished 
edges of the top, which will greatly reduce the risk of damage to these edges, and 
will also act as a cover to the mastic bed in cases where VITROLITB is not to be fixed 
on the counter fronts. 

If the front does not slope outwards from the base, the skirting should be set back 
a little to a height of approximately 6" from the floor. The bottom edge of the 
vitrolite above this recess should be supported on metal anchors or a continuous 
metal angle or strip. In cases where the panels are to be fixed to a front sloping 
outwards from the base, it is necessary for the top and bottom edges of these 
p.m. Is to be secured on the face by special metal clips or a continuous metal angle. 

FLOORS 

vi tkoi.ite floor tiles should be laid on a Concrete floor if the best results are to be 
obtained. In renovation work where a wood floor already exists, it has been found 
suitable to fix l" Y \" wood laths at 12" centres and to cover these with galvanised 
wire netting securely spiked to the laths and anchored to the floor with galvanised 
staples. A Portland Cement screed (1 3) applied to a depth of \" to j>" will provide 
a firm base for the floor tiles ; it should be kept as even as possible, and when set, 
the tiles can be fixed on a \" to |" bed of Portland Cement and Sand. Allow 
24 hours for setting and grout neat cement into the joints ; the cement should 
stop just below the top surface of the floor tiles. 



BATHROOMS 



/ITROLITE" SPECIFICATIONS 




SECTION THROUGH VERTICAL RECESSES ABOVE BASIN 




SECTION THROUGH DOOR 
FRAME TO CUPBOARD 



SECTION THROUGH FRONT 

OF DRESSING TABLE "" — — — ^_^-^^« 

DETAILS OF BATHROOM AT KEIGHLEY YORKS 




ATHROOM IN A PRIVATE HOUSE KEIGHLEY YORKSHIRE 



• SPECIFICATION 



Panel. ..i ,1 - <-mr«h«-ll VitrolM tm a Mo \' .■Urrr.l P Utr „ >,y r ,\ ,i.,, iM h 

with o>ncav« (ICUM an ej. tctmf a 

*kmp» rn a whd Srhiiwl d Kc .irn.m f tabic, «h*ch .» 

huitti an dr. Inn fluted V^trofcte on rack ...W 

■ floor of ta* hathrw.cn and shower r« 
k'fern Y.trohte fluur tile* art UmI and groaned in Portland (mmi to a r*u«« of 6 to I lineal 
h aVtaWt of tk, Kitk ~, .m Ik, /Bun *«*) 




>N THROUGH RECESS 
OVER BATH 



SECTION THROUGH DOOR 
TO SHOWER CABINET 



DiTAIll OF BATHROOM AT MlCHlH YORKSHIRE 




BATHROOM IN A PRIVATE HOUSE KEIGHLEY YORKSHIRE 



• SPECIFICATION 



nan at the back and end of the bath, and I 
act — Mag otf thr \\ I 

l .*» the unonth wdc with Mtin faijaard 
<■ hath c.*v«»t» .»» ,tnp% oi ;" Mi pw] uUtttd Plate Glaaa. and 
da with vertical thaded taadhtaat Bute* tinted to match the bath. 
The •offia* of the bath rcceaae 

/ It dttmh of Ihe mmim. J 



/ITROLITE" SPECIFICATIONS 



SPECIFICATION '"" »■■» KnJflg &WB Boot ,„ ceiling is ,„ alternate courses of 
lifhl Ud .l,rk ,;,' gTMO \,,,< \ lt ,„l„, uhlan , 4 ' ,«», w.th 

Ma mm band* „,s, below orinc Wiht I he rccc*. above 
ti-« bain it lined «,.„ VltroUte «,i ti„ s Jlllc t „| l)ljr . A „„„,„_ 

■■l-nct it bed ..nmeu.ately ibore, uith tubular B*MtaJ M 



either ads. 



BATHROOMS 




SHOW BATHROOM 



MESSRS. SHANKS & CO. LTD ■ BOND STREET ■ LONDON 



/ITROLITE" SPECIFICATIONS 



SPECIFICATION n« \.i.,,i„, „.,u i, mnu lrom t | K . Hoor to llu . t<ip ul (|r . hoxc| _ 

out ihetai mania ol dteraate oouna oi light ami dark L« 
Wtrolite, with pan<K „, ,;■ (ggjfcdj vhnlta 

■bovcand two nun, bands ol -j,- walnut AgM \ ,• 

UK .op. A feature has been made of walnut Apatc Vitn.liic. 

which formv a surround to a uurr.,r fixed flush. 



ATHROOMS 




PRIVATE HOUSE AT CRANLEIGH ■ SURREY 



MTROLITE" SPECIFICATIONS 



• SPECIFICATION Grotmd Mow Cloakroom: The skirting U in fr' gran Vitrolitc, 
with OOUIMi ol 15' 10* cloudy primTOM \itrolitc ashlars, and 
BDOVe arc hands ol green Vltrolite separated hy a hand of cloudy 
primTOM Vltrolite. The top hand, which has a half-rounded 
anil polished edge, is carried round the mirror as a feature. The 
joint! ..re pointed in colour. The floor is of pressed Vitrolitc 
tiles laid and grouted in Portland cement to a gauge of 6 to 1 
lineal foot 




HOUSE AT COPMANTHORPE ■ NEAR YORK 
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HORIZONTAL SECTION 
TELEPHONE RECESS 





SOAP RECESS 




ELEVATION 



BATHROOMS AT THE SAVOY HOTEL ■ LONDON 



BATHROOM 




THE SAVOY HOTEL 



RCHITECTS: STANLEY HALL. EASTON & ROBERTSON f 



SPECI FICATION 



The wall lining to these bathrooms is in ,";," Vitrolite to dado height. Each bath- 
room has a different colour scheme with bands, panels, semi-circles, etc., of contrasting 
colours. The principal colours employed are shell pink, pearl grey, turquoise blue, 
eggshell, golden Agate and primrose. Above are three " close-ups " which illustrate 
how a feature can be made of recesses and shelves. 



■VITROLITE" SPECIFICATIO 



METAl CLIP SUPPORT 



POILITE FLAT SHEETING 




• CUPBOARD BOTTOM FRAMED 1 DOUBLE 
PANELLED HUSH WITH POILITE FLAT 
















DETAIL SECTION THROUGH KITCHEN CUPBOARD 
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/ITROLITE" SPECIFICATIONS 



SPECIFICATION This scheme consists ° f » Girting in &' black Vitrolite with 
courses of $•" eggshell ashlars I2"xi8" above, followed by a 
band of £' black Vitrolite. A capping of &* eggshell Vitrolite 
completes the dado. Panels of -&" black Vitrolite are fixed. 
behind the sink and refrigerator. 
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KITCHENS IN A BLOCK OF FLATS 
15 PORTMAN SQUARE 



MTROLITE" SPECIFICA 



• SPECIFICATION This kitchen h as a V Mack Vitrolite skirting and the rest of the 
wall covering is ^" primrose Vitrolite ashlars i4"X2i" with a 
^" black Vitrolite band at dado height. 
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LINCOLN CO-OPERATIVE SOCIETY'S NEW PREMISES 
FREE SCHOOL LANE ■ LINCOLN 



ARCHITECTS : C.W.S. ARCHITECTS' DEPARTMENT 



• SPECIFICATION --i«*r 



KITCHENS 
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KITCHEN IN A PRIVATE HOUSE 



ROCHDALE ROAD ■ HALIFAX 



SPECIFICATIONS 



•SPECIFICATION The walls are lined to door height with &" e gg she11 Vitrolite 
ashlars I4"x2i" with a skirting of ^" black Vitrolite and a band 
of -jfc" green Agate Vitrolite below the eggshell capping. 




VICTORIA INFIRMARY GLASGOW 



ARCHITECTS WATSON. SAIMONO A 



MTROLITE" SPECIFICATIONS 




»»"VIT»OllTI" COVt J' HADIUS 

PERSPECTIVE VIEW tooto in g..pon mastic t 

SPfCIAl 




DETAIL SECTION AND PLAN THROUGH WALLING 



HOSPITALS 




DENTAL SURGERY ■ ST. HELENS 



ARCHITECT: HERBERT J. ROWSE f 



• SPEC I FICATION 



This scheme comprises f a " ivory Yitrolite in 14" 21' ashlars, with narrow bands of &" 
eggshell Vitrolite to provide relief. Bent coves, 2" radius, provide the junction between the 
wall lining and the rubber floor, and in addition, three-way intersections are used at all in- 
ternal and external corners. The scheme finishes with a narrow strip of ivory Vitrolite under 
a plaster ceiling cove. 



HOSPITALS 



■' e 

L i F 

I 



A HOSPITAL IN HAMPSHIRE 



CLOAKROOMS AND 
LAVATORIES 






• SPEC I MC AT ION 



CLOAKROOMS & LAVATORIES 




GREAT EASTERN HOTEL ■ LONDON 



/ITROLITE" SPECIFICATIONS 



IDERABLE CHANGE IN TEMPERATURE 
RESULTING IN SURFACE CONDENSATION 




DETAIL SECTION AND PLAN THROUGH WALLING 



CLOAKROOMS & LAVATORIES 




LADIES' TOILETS MESSRS. DALY'S GLASGOW 



ARCHITECTS: JOHN KEPPIE & HENDERSON 
CHARTERED ARCHITECTS 



• SPECIFICATION 



The D.ul.i i^ hi ,;. black Vitrobte on ■ black Vhroiite cove anil upper portjoi 

Vitrulitc. All la" 18 rahlara. The mirrors above the baaini arc ri\cd Buah with the Vitrolhe. 

Tin- Boor ia od inmrrl green Vltrolite tik-^ with borden "t Mack and ivory, laid and pouted m 

Portland cement to I gangl ol 6 to I lineal toot. 



ROUTE" SPECIFICATIONS 



SPECIFICATION 

iw.i i.i»c»t moom »rc ■ . 

oourtc* of primrose. Alv | and d 

J' «• 'rcn fixed nWi 

I l are Kipported on chromium-plated bracket* 



CLOAKROOMS & LAVATORIES 




LADIES' LAVATORIES ■ SELSDON PARK HOTEL 

ARCHITECT: HUGH MACINTOSH f 



"VITROLITE" SPECIFICATIONS 




HORIZONTAL SECTION THROUGH DOOR FRAMES AND PARTITIONS 



DETAILS OF VITROLITE AND STEEL-FRAMED W.C. PARTITIONS 



CLOAKROOMS & LAVATORIES 




2 Fixing the panels of fr" Vitrolite back 
to back with Gripon Mastic. 

3 The finished pan 



TROLITE" SPECIflCATIONS 
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FRONT ELEVATION OF 
MULLION 



VERTICAL SEC • artiTION 



VO»#OM MASTIC* 



' ■* H.M 
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CONSTRUCTION OF MODERN LAVATORY PARTITION 



CLOAKROOMS A LAVATORIES 





ELECTRICITY SHOWROOMS AND OFFICES TORQUAY 



BOROUGH ENGINEER AND SURVEYOR 
P. W. LADMORE muci 



• SPECIFIC ATION 



I'. mm. hi- are composed of foui i inel ol ,, pearl gre] Vitrolite, fixed back to back in pain, the 
centre joint being itaggered. I 1'< ,:. \ itrolite on ilu- walk and mulliona bud to the nee ol the 
parti tiona, which real on .i mild »teel In lection, mpported in the centre In ■ latin ftnithfd 
ehronuum u-k- The mullioni and tranaomei let c onc rete heed in Vitrolite 

who tin- binga and itriking platea fixed to """il blocka fluah with ili<- Vitrolite Toilet-paper 
balden in mew ed t" •« reinforcing plat< m tlu ilmkiu— • » i tin- partitiona. 



"VITROLITE" SPECIFICATIONS 
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DETAIL SECTION THROUGH PARTITION 




UNDERGROUND SUBWAY AND PUBLIC LAVATORIES SCARBOROUGH 
ARCHITECT ANO SO»OC 



• SPECIFICATION 
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■*■ PLAN 









DETAIL SECTION AND PLAN THROUGH DRESSING TABLE 



CLOAKROOMS & LAVATORIES 




LADIES' LAVATORY ■ PRINCE OF WALES HOTEL SOUTHPORT 



ARCHITECT: E. HARDMAN 



SPECIFIC AT ION 



The scheme is composed ol a ,;." black Vitrolite skirting followed bj two bands of ,';,' green 
Vitrolite, separated bj a -tup of fc'pale amber Polished Plate glass silvered, and fc* black 
\ in.. ln< with shaded sandblast flutes, the top edge of which coincides with the top oi the wash- 
basins. The scmim, ul, i rrors m f Poli ilvered are fixed flush with 

the primrose Vitrolite, which is continued to approximately door height. Two bands of ,';,'' 
blacl \ m. .In, above and below th ,;, " ivory Vitrolite frieze complete the scheme. 
Dressing tables have been arranged at the right-hand end of the room bj facing the boxed 
..Ht portions with ,; hl.uk Vitrolite and providing shelves immediatel) in front of the large 
silvered plates which have decoration in the form oi lour narrow sandblast lines. 



•VITROLITE" SPECIFICATIONS 
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SECTION THROUGH LAVATORY BASIN ON WINDOW WALL 



CLOAKROOMS & LAVATORIES 




GENTLEMEN'S LAVATORIES ■ ROYAL STATION HOTEL • HULL 



ARCHITECT: C. H. E. BRIDGEN ESQ. 



• SPECIFICATION 



The walls are lined above the Terrazzo floor cove with -^" pearl grey Vitrolite in standard 12" X 18" 
ashlars. The scheme is relieved by a black skirting and two bands of ^" tango Vitrolite. The 
horizontal treatment is further emphasised by \" wide joints pointed in colour. Mirrors enlarge 
the apparent size of the room and are fixed flush with the surrounding Vitrolite. Illumination 
over the basins is obtained from tube lamps concealed behind mirror strips with clear sandblast 
lines. The W.C. partitions, which are not shown in the photograph, are composed of pre-cast 
concrete slabs 1 V thick, raised 4" from the floor, and the Vitrolite is fixed to them in the usual 
manner, the bottom course being supported on anchors. Around the door openings the Vitrolite 
is tucked behind a fillet on the frame or a superimposed wood architrave. 



MTROLITE" SPECIFICATIONS 
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\ H t»A S STEEL TUBE 
*> AlAAASTINE POINTING 



U GUIPONEX MASTIC BED, 
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^SECTIC 
^DOUBLE TUBE 
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SECTION OF 

PLAN CHANNEL § # CHANNEL 

DETAIL SECTION AND PLAN THROUGH URINAL STALLS 



CLOAKROOMS & LAVATORIES 




URINAL STALLS ■ FIVE WAYS HOTEL ■ NOTTINGHAM 



ARCHITECTS : BAILY AND EBERLIN ... 



• SPECIFICATION 



The wall panels with the top exposed edge half rounded and polished, are in / G " white Vitrolite, 
fixed to a Portland cement screed with Griponex Mastic. The same material fixed back to back 
forms laminated partitions, with a cushion of mastic between the panels, and the front edge 
covered by a slotted stainless steel tube recessed into the floor and wall, to provide rigidity. 



LOUNGE AND 
COCKTAIL BARS 



VITROLITE" SPECIFICATIONS 




DETAIL SECTION AND PLAN THROUGH COCKTAIL COUNTER 



LOUNGE & COCKTAIL BARS 




COCKTAIL BAR AT WOODSIDE HOTEL AND COUNTRY CLUB 
NEAR HAILSHAM ■ SUSSEX 

ARCHITECT: ALWYN UNDERDOWN f 



SPECIFIC ATION 



i ovcred bj 



overed in ,;," Vitrolite. The cxpotcd .mule-, ol the vertii 
ted bead, and the bar to] 

I tmi-li. 

black Vitrolite with thi V riaera and door in fr' green Agate Vitrolite. The 
wall behind thi bar i in ,, black Vitrolite with band* of nd green Vitrolite. 

trolite, 



ROUTE" SPECIFICATIONS 




DETAIL SECTION OF FIR 



E P L A C E 



LOUNGE AND COCKTAIL BARS 




UNION INN • DUNFERMLINE 



ARCHITECT: R. H. MOTION i 



• SPECI FICATION 



The walls are in ^" pearl grey and shell pink Vitrolite ashlars, 10"/ 15" with relief in the form 
of ■&" turquoise and black bands. The fireplace is of ■'/ black and pearl grey Vitrolite with a 
surround of f ff " black Vitrolite with shaded sandblast flutes. The mirrors have Brilliant Cut 
motifs and the bar top is fitted with -&" black Toughened Glass. 



"VITROLITE" SPECIFICA 



• SPECIFICATION The dado below the decorative panel is of f 6 "green Agate Vitro- 
lite. The decorative panel is of \" Rough Cast Double Rolled 
Glass, silvered, with design consisting of brushed out silvered 
lines which are illuminated from behind. The panel is removable 
to provide access to the lamps and is held in position by a 
chromium-plated metal strip. On either side and above and 
below the decorative features are fixed squares of \" pale pink 
Rough Cast Plate Glass, silvered on the smooth side. The ribs 
which are on the face converge towards the decorative panel. 
The counter front and the wall behind the counter are faced with 
i%" green Agate Vitrolite, the shelves being ]" Armourplate 
glass supported by chromium-plated brackets. The end wall, 
which is not shown in the photograph, is carried out in Feathered 
Washboard glass silvered on the smooth side with vertical ribs on 
the face. Also on the same wall are illuminated pilasters of the 
same glass, sandblast on the smooth inner surface. 



LOUNGE AND COCKTAIL B 




COCKTAIL BAR ■ BLACKPOOL WINTER GARDENS 



ARCHITECT: ARCHITECTS' DEPARTMENT 
BLACKPOOL WINTER GARDENS & PAVILION CO. LTD. 



ROUTE" SPECIFICATIONS 







DETAIL SECTION OF COCKTAIL COUNTER 



LOUNGE AND COCKTAIL BARS 




LIBERTON INN ■ LIBERTON ■ EDINBURGH 



ARCHITECT: T. AIKMAN SWAN a 



• SPECIFICATIO N 



The walls are in -ft" black Vitrolite ashlars with colour-pointed joints. Pink polished plate glass 
silvered plaques with brilliant cut cartoon figures are superimposed on the face of the Vitrolite on 
either side of the bar. The curved walls at the entrance are in -ft" turquoise Vitrolite panels 
facetted. The fireplace surround is in pink silvered Plate Glass fixed flush with the Vitrolite. 
The bar is in turquoise Vitrolite with top and bottom bands of pink silvered Plate Glass and the 
bar top is in ft" black Toughened Glass. 



"VITROLITE" SPECIFICATIONS 



SPECIFIC AT I O N '->'"'■"■ The walla above the fixed seat* arc raced with fr'rvotj 
Vitrolite in 12 i8 aahlars meeting the piaster Erieae ulm.li 
projecta slightly. Decoration ia provided bj curved lines sand- 
bkurt and painted orange and green, the colours being it maul on 
adjoining walla. On other portions ol tin room, the mIkihc ia 
completed bj courses ol ivorj Vitrolite above a skirtii 

tgate Vitrolite. A feature baa been made ol the- electric 
wall fittinga b] covering the curved i.m> with pink mirror 
Vrtroflex. 

iliilmi). This scheme comprise* courses I •' 
Vitrolite ashlar- ; I \ 'itrulitc. 

Ktlut i- obtained In tin introduction "i three hands of {" 
• aide and silvered, 
with the nh* running scatjealrj on d 




ANLABY PARK HOTEL ■ HULL 



ARCHITECT: F. ROBSON lr,..a. 



HAIRDRESSING SALOONS 




LADIES' HAIRDRESSING SALOON ■ SELSDON PARK HOTEL 

ARCHITECT: HUGH MACINTOSH f 






SPECIFICATIONS 



• SPECIFICATION Ille walls arc lined with P anels o( ti" g reen Vitrolite relieve J 
with a band of f s " green Agate Vitrolite. A shelf is provided a: 
the top of the boxed out portions and at the bottom of the mirror 
behind the basin. 













HAIRDRESSING SALOONS 
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LADIES' HAIRDRESSING SALOONS ■ C.W.S. NEWCASTLE 



ARCHITECT: L. G. EKINS , 



MTROLITE" SPECIFICATIONS 



ALTERNATIVE 



ARRISSEDEDCE 




DETAIL PLAN AND SECTION THROUGH PARTITION 



RDRESSING SALOONS 




HAIRDRESSING SALOON ■ LEWIS'S LTD ■ GLASGOW 



• SPECI FICATION 



There are eighteen hairdressing cubicles arranged in pairs of one colour scheme. All are fitted in 
panels of -j 5 6 " Vitrolite with bands of contrasting colours, the main colours being : shell pink, 
primrose, green, green Agate and black, while the Chiropody cubicles are fitted with -fa" green 
Agate Vitrolite. 



IHO'1 ahO CAMS 



mthohti- srtcif ICATIONS 



Ofc^X MMTC lOMINC- 



■ ...ON 1A« t 
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Ml SECTION THROUGH G R E E N G * O C E A T COUNTER 



!>HOPS AND CAFES 




GREENGROCERY DEPARTMENT CWS NEWCASTLE 

ARCHITECT : W. G. TOWNSEND-GRAY uaxu 
THE ARCHITECTS' DEPARTMENT. CO-OPERATIVE WHOLESALE SOCIETY 

NORTH-EASTERN AREA 

• SPEC I FICATION 



Thia acheme ia in panel aizea ol ,;. Vitrolite, thi main colour bong pearl grey with thi friea in 
two hands ol white separated bj ■ itrip ol green Between the lower white Friesc band and thi 
pearl grey Vitrolite a wood panel ia inaerted with ttainli - thi metal Ictten 

The facing to the countei fronta ia in pearl grej whhi i I black VitroHti 



MTROLITE" SPECIFICATIO 



WINDOW BOTTOM 




CORK EXPANSION TAPE I GP.IPONEX MASTIC POINTING 



DETAIL SECTION THROUGH SHOPiFRONT 



SHOPS AND CAFES 
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MESSRS. MARTINS ■ SAUCHIEHALL STREET ■ GLASGOW 



• SPECIFICATION 



This fascia is of ■&" shell pink Vitrolite relieved by bands of -fc" white Vitrolite with sandblast 
lines painted black. The base is &" black Toughened Glass. The return to the entrance is 
^" shell pink Vitrolite with black and white bands, the external angle being covered by a 
metal strip. 



MTROLITE" SPECIFICATION 



SPECIFICATION 

bad ,'; ' Macfc \nr 
the M ?\u* in thu fitting 

•re in J' | 
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LIVERPOOL CO-OPERATIVE SOCIETY 



ARCHITECTS: ORMROD AND BANISTER 



TROLITE" SPECIFICATIONS 




PROJECTING 
HORIZONTAL 
BANDS BETWEEN 
PILASTER PANELS 



PART ELEVATION 
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PART ELEVATION 



CONSTRUCTIONAL DETAILS OF VITROLITE FACING TO SHOP FRONT 



SHOPS AND CAFES 



• SPECI FICATION 



., ... , 



ti ind entrance vestibule* are 

M \ .1. .-In. and : Polished 
Above thi blai k glass plinth 



pant 



with i 



horisontal strips . > t | polished I 

i haw bands pi I 

iii.iim wall Face and metal an 
the primros* panel .»!>> >\ > i 

..I the i 

l'« m black glass plates with thi i 

in.iii.K ui eontinui .1 fi 

I., idi thi 
Vitrolite panels and black strips 
und tin ! ..in .in 
• .1 lintel below the in.nn fas 
ili I. < in | polished black gli 
■ 

■ I imps .in . ii i nil iimiihI I 

curve, tin holders being fixed 

ntrj to hardwood blocks finish 
Hush with the surrounding 
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fact 




MESSRS HALL CROWN 
OXFORD STREET LONDON 



ARCHITECT OLIVER P BERNARD i 



"VITROLITE" SPECIFICATIONS 




DETAIL SECTION AND PLAN THROUGH WINDOW 



SHOPS AND CAFES 




MESSRS. MORRIS'S ■ WORKSOP 



ARCHITECTS : J. HASLAM, SON AND HALLOLEY 



• SPECIFICATION 



The facing to this building is {' 6 " black Vitrolite in panel form finishing with a band of -^" tango 
Vitrolite and a coping of the same material. The projecting fin and bends to the tower are also 
in ^" black Vitrolite. Fixing medium is Griponex Mastic with cork expansion tape to all 
horizontal joints. 



MTROLITE" SPECIFICATIONS 



SPECIFICATION "" *"■**■■ • v,,i«,ti, <,r,|«.n \umk Im 

will ; . -> \ ittolllc, 

I lnl.l ill !«»lt|..i 

mrtil 

°< A 

m j 

MiiToundnl by £* green Vtealta md pfal mirror with »luuJed 



SHOPS AND CAFES 




ARCHITECTS : ARCHITECTS' DEPARTMENT, CADBY HALL 



E Clf ICATIONS 










DETAIL SECTION THROUGH SHOP FRONT 



I 




< /i'! / || ' v Mil v BAR ',ni'iou 



t>\« Hill' I ll'/WJK VmOACfjS. 



• MM CIFICATION 



lln.il, „„l I 



Uadi 



"VITROLITE" SPECIFICATIONS 




SECTION THROUGH WALL FACE 




H BLACK CLASS SKIRTING 
SCREWED TO WOOD 
BACKING WITH A SMALL 
CUSHION OF MASTIC 
BEHIND SCREWS TO 
HAVE METAL COLLARS 
CORK EXPANSION TAPE 
AND GRIPON MASTIC 
POINTING 



SCALE Of INCHES 



VERTICAL SECTION THROUGH COUNTER FRONT 



S AND CAFES 
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MESSRS. HONEY DEW LTD LONDON 



• SPECI FICATION 

\,tr.,l,t. mil lining .iii.l ..iu.it.-r in (MM -I MeBM 1 1 D 

eonwrieee paneb ol ,, wtuti Vkrofcti I to the «all- by wood i ■■■ ha.kwall 

behind the counter a \* whit* Vttroliti 

..mimM- .,1 a |* black \itrol"' 

the fr' white Vitrotite penew ebovi [mmedieteij ..!..... ihit but forward from th 

it an apron piece oi I whttl \ itroliw- Wpporttd .<n mrt.il an. I,.,r- wh 

projecting J" white Vitrolit. eOUBtH (Of the Vitrohtr jr. Bol w id 



-ITE " SPECIFICATIONS 




DETAILS OF COUNTER FRONT IN VITROLITE 



SHOPS AND CAFES 




TELEPHONE ROOM ■ STRAND CORNER HOUSE ■ LONDON 

ARCHITECTS : ARCHITECTS' DEPARTMENT, J. LYONS & CO. LTD., CADBY HALL 



• SPECI FICATION 



The scheme consists of fa" green Vitrolite i\" deep fixed on the splay with alternating and 
diminishing bands of fa" green and primrose Vitrolite meeting a plaster cove cornice. The 
Vitrolite is carried into each telephone cubicle in which is fixed a shelf of -£-" thick polished black 
glass let into the wall on three sides to take telephone instrument. A feature has been made of 
the counter with faceted front. The primrose Vitrolite panels above the green Vitrolite skirting 
have been sloped forward, the top edge being held back by chromium-plated clips which also 
support the green Vitrolite band above. The top band of primrose Vitrolite has its top edge 
slightly rounded and polished, meeting the I" thick polished black glass counter top upon which 
is fixed metal framing to take the obscured glass screen. 



MTROLITE" SPECIFICATIONS 



METAL SOCKET 




MiTAl SOCKCT 



METAL EDGED TABLE 

TOPFIXEDTOS.STEEL 

TUBE FRAME 
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»W*1WOO0 tACKMG 

SECTION m 




GMPON MASTIC MO 



METAL EDGED TABLE TOP 
FIXED TO WOOD FRAME 



SECTION 



~t 



L *io*>i vrnuxm to» 



METHOD ■ FIXING 



DETAIL SECTION AND PLAN THROUGH SPECIAL TABLE TOPS 




MESSRS. W. D. & H. O. WILLS ■ BEDMINSTER ■ BRISTOL 



• SPECIFICATION 



The tops to the tables are , 7 6 " white Vitrolite with all edges polished, fixed with Gripon 
Mastic to wood tops which have previously been treated with Gripon Sealer. 



IXTIIIOt USiS 



HTROLITE" SPECIFICATIONS 




DETAIL SECTION THROUGH FRONTAGE OF BUILDING 



• SPECIFICATION 

Above the canopy, the wal 
with ■&" black and -fa" gn 
Vitrolite from the top of the 
the parapet, with bends to 
alternate strips of -fe" black and gi 
Vitrolite. Below the canopy, the piers 
and returns on each side of the 
entrance are faced with -jfe" black 
Vitrolite with &" black Toughened 
plinths. 




ODEON CINEMA ■ KETTERING 



ARCHITECT: H. W. WEEDON a 



MTROLITE" SPECIFICATIONS 




PLAN 0f CANOPY 



DETAIL SECTION THROUGH CANOPY 



EXTERIOR USES 




SAVOY CINEMA ■ NOTTINGHAM 



• SPECI FICATION 



Below the canopy is , 5 6 " black Yit 
bands. The two side columns a 
used tor the centre column. 



ARCHITECT. R.W.COOPER* 



■lite and above is f t " green Agate Yitrolite with black Yitrolite 
in bent green Agate Yitrolite, while black Yitrolite has been 



MTROLITE" SPECIFICATIONS 

i-aCe of adjoining building 



STUDS FIXED TO THE FACE OF 

BUILDING AND COVERED 
POILITE F 




VERTICAL SECTION 

SOLE OF INCHES 



DETAIL SECTIONS THROUGH FACE OF BUILDING 



EXTERIOR USES 



• SPECI FICATION 

Tin IiimiI is i .i\i ii .1 w ilh ,;, " green and 

fixed wilh a cushion 

.1 i I. unless steel 

I Im I, ,u king is Poilite Hat 

cui 'I i" itud -' 'l to 

ii. tin jointing, and the strips 

iming Neon lighting 

i 'aim ,1 ov( i tin I. ii c ol the Vitrolite 

.\ iili iln Ii .id nd Ik Id. idi posed in the 

i ' i i .ii i po ibli i" obviate drilling. 

,i thi building the Vitrolite 
i iii i ted by a lead 
ping. 
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CARLTON CINEMA ■ BEXHILL 



■VITROLITE" SPECIFICATIONS 



INFORCED CONCRETE STRUCTURE 




►OlNTlNO UTWIEN 
HORIZONTAL joi«'i 



VCAU o» INCHCS 



AXONOMETRIC SKETCH THROUGH WINDOW 



• SPEC I FICATION 

roj -I I Jii' \gat< 
'■hi., in, 'i i,. sailing '■, th< canopj 

Itrolito held in 

ICttl I" tl4fM MjOVI th< 

I ,;." royal blue Agau 

itrolit* 




"CINE PLAZA" CALLE CORRIENTES 
BUENOS AIRES 



ARCHITECT: SENOR Al BERTO BAUEH 



TROUT E" SPECIFICATIONS 



• SPECIFICATION I'** 



EXTERIOR USES 



IHUIMI! 



ANSELLS 



THE INKERMAN COTTAGE HOTEL WEST BROMWICH 



ARCHITECTS | P OSBORNE A SO'. 



"VITROLITE" SPECIFICATIONS 




DETAIL SECTION THROUGH VITROLITE ON WINDOW WALL 



EXTERIOR USES 




ROMAC BUILDING ■ HENDON 



ARCHITECTS : M. E. & O. H. COLLINS n 



• SPECI FICATION 



The facing to this building consists of alternate courses of f e " black and J." golden Agate Vitrolite 
with a bottom course of A" black Vitrolite. The whole installation is fixed with Griponex Mastic 
to a Portland cement screeded wall, which has previously been treated with Gripon Sealer. 



MTROLITE" SPECIFICAT 




'» BLACK TOUGHENED GLASS WITh] 

VERTICAL SHADED 

FLUTES 



SCALE Of INCHES 



MESSRS. REED MILLICAN AND CO. LTD 



EXTERIOR USES 



• SPECIFICATION 

The stall risers and pilasters are in 
f g " black Toughened Glass, the 
stall risers having shaded sandblast 
flutes. The fascia is of Toughened 
Plate Glass with sandblast letters 
painted white, illuminated by con- 
cealed tubular lighting. The walls 
above the fascia are covered with 
i/ royal blue Agate Vitrolite and 
the window reveals are in -f e " tango 
Vitrolite. 

The fixing method is a cushion of 
Griponex Mastic with metal cover 
strips to Portland cement screeded 
walls which were first treated with 
Gripon Sealer. 




MESSRS. REED 
NEWCASTLE 



MILUCAN & CO. LTD. 



LITE" SPECIFICATIONS 



SPECI FICATION This Vitrolite installation has a base of £* black with panels of 
-&" turquoise, and wedgwood above. The door and window 
reveals are of f g " tango Vitrolite, and above is ^" pearl grey, 
finishing with a band of - 1 7 6 " black Vitrolite. 



EXTERIOR USES 




MINER'S HALL 



MINER'S HALL CINEMA 



ARCHITECT j N FATKIN . . .. 



MTROLITE" SPECIFICATIONS 



SPECI FICATION This insta,lation has a I" polished black glass plinth with pilasters 
and fascia of f 6 " primrose Vitrolite and bands of f e " green 
Vitrolite at the top. 







OODHALL GARAGE CALVERIEY Nr BRADFORD 



T EDWIN BRAY 



"VITROLITE" SPECIFICATIONS 




DETAIL SECTION AND PLAN THROUGH WALLING 



EXTERIOR USES 




ENAGH GENERAL HOSPITAL ■ CO. TIPPERARY ■ I.F.S. 



ARCHITECT: VINCENT KELLY B 



SPECIF ICATION 



e is of -fe" black Vitrolite with relief bands of ^" tango Vitrolite fixed to a Portland 
cement screeded wall with Gripon Sealer and Griponex .Mastic. A feature has been made of 
the horizontal joints, which are pointed in colour. 



MTROLITE" SPECIFICATIONS 



t\ 



!• — !/„»„ 



CONCRETE PLINTH 



PART ELEVATION 




SECTION THROUGH XX 




HORIZONTAL SECTION 



CONSTRUCTIONAL DETAILS OF PROMENADE SHELTERS 



EXTERIOR USES 



• SPECIFICATION 

TheM shelters are constructed in 
n inforced com rete with Plate glass 
framed in bronze, jj," 
primrose and green Agate Vitroliti 
with a ,;," black Vitrolit. ba i 
The concrete substrw tun w i 
d with Gripon Scaler and the 
\ itrolite fixed with I iriponex Mastic 
ibove a projecting concrete plinth. 

Alnn^ tin- nppci ( iIl'i , nl the Yitro- 

Utt .1 bronze -ill lips over and forms 
I weatherproof joint. A special 
iplayed channel section in bronze is 

filed at all vertical external angles, 

giving a watertight corner and 
additional protection. The Vitro- 
hte is scribed to a teak fillet at the 

einls of the seats and is continued 
■long the hacks for a depth ol 3 ins 
bcl.iu the -ills. 




PROMENADE SHELTERS HASTINGS 



ARCHITECT: 

THE BOROUGH AND WATER ENGINEERS' DEPARTMENT 

SIDNEY LITTLE. M.lnst.C E 



STAIRCASES AND 
OFFICES 






TE" SPECIFICATIO 




PART ELEVATION 



0-<« P«n. 

SECTION THROUGH BALUSTRADE 



CONSTRUCTIONAL DETAILS OF STAIRCASE 



STAIRCASES AND OFFICES 




HOUSE OF H. P. BRAZIER. ESQ WORTHING 



• SPECIFIC ATION 



Tin walls i" the underside ol the balcon; are panelled in 

standard blue polished Plata glass tilvered, ttippled on the bee. Immediately inairlr the front 
thick back gate panel with a tandbl ph). The 

st.uri.i-.i- wall i> lined with | black \ nr. .iitt- re) i 
ami In-low is i cupboard with iHdin| 

bl.uk gai IIh top ot the bahatradc ■ c o v er e d with bent blue ej 
< in pon Mastic The remainder of the 
mirror bands, and all tin cohu 
decora ti are shaded sandblaat pan 



ROUTE" SPECIFICATION 

TOPS 10 STEPPINGS IN BALUSIRAC 



n 



<< 
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iu 




ELEVATION VERTICAL SECTION 

PORTION SHOWING STEPPINGS TO BALUSTRADE 
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SECTION THROUGH PILASTERS BETWEEN ENTRANCE DOORS 



STAIRCASES AND OFFICES 




BAND PAVILION ■ CLACTON-ON-SEA 



SURVEYOR TO THE URBAN DISTRICT COUNCIL 
W. AISTON „ 



•SPECIF ICATION 



The walla oi thecafi and piei in the main hall are faced in ded bandaoi golden 

Vgate and | roa< Each i i ip oi | Rough Cast Plati gla i on edge, 

l< i Into the |oinf and fixed in i i hi i in th< rendi material it fixed on ih<- top oi 



119 



AND OFFICES 




STAIRCASE MESSRS. J. & H. SMITH ■ THE HEADROW LEEDS 

ARCHITECT: C. CASTELOW a. 



VITROLITE" SPECIFICATIONS 




ss 




1 









GRIPON MASTIC BE 



STANDARD TYPE MANUFACTURED BY CRITTAU 



DETAIL SECTIONS THROUGH SCREENS 




OFFICES • MESSRS. PILKINGTON BROTHERS LTD • DONCASTER 



SPECIF ICATION 

These photographs illustrate the suitability of Vitrolite as a means of providing a permanent 
decorative dado for partitions in offices, hospitals, etc. The Vitrolite is double glazed in metal 
frames with clear or obscured glass above. 
The drawing on the opposite page shows three standard types of partitions. 



PECIFICATIONS 



SPECIFICATION The f1oor is of & " P ressed b 'ack Vitrolite tiles with inlay bands of 
^" ivory Vitrolite, laid and grouted in Portland cement to a gauge 
of 6 to i lineal foot. The electric fire surround and dado (in which 
are incorporated frameless Vitrolite sliding doors to cupboards) 
are in ft" black Vitrolite. The walls are ft" turquoise Vitrolite 
with inlaid strips of ft" shell pink Vitrolite. The decorative panel 
on the left consists of ft' black Vitrolite, the design being carried 
out in platinum and gold lines painted and fired into the surface. 
The pilasters on either side are of |" silvered Polished Plate Glass 
with brilliant cut and polished flutes. 



STAIRCASES AND OFFICES 




WAITING ROOM ■ MESSRS. PILKINGTON BROTHERS LIMITED ' DONCASTER 



STAIRCASES AND C 




NETHER HALL COUNCIL OFFICES ■ DONCASTER 



ARCHITECTS : MESSRS. WALKER & THOMPSON , 



"VITRO LITE" SPECIFICATIONS 




ALTERNATIVE 




DETAIL SECTION THROUGH BRICK ARCH 



tSES AND OFFICES 




VIEW BEFORE FIXING 



SHOWING VITROI I 



PASSAGE AT THE BEEHIVE INN BIRMINGHAM 
(for Messrs. Atkinsons' Brewery) 



ARCHITECT W S CLEMENTS ,,.. 



• SPECIF ICATION 



faced with A' walnut A*»te ttnp* urcwrd int.. wmd php I* >"•■ JM ftm 



'ITROLITE" SPECIFICATION 



;:#fe. : 



'NfOACED CONCRETE 




PLAN OF ROSETTE FIXING 



DETAIL SECTION AND PLAN THROUGH CEILING 




DAIRY • LEEDS INDUSTRIAL CO-OPERATIVE SOCIETY, LTD. 



ARCHITECT: F. MILNES f 



• SPECIF ICATION 



This ceiling and the beams are covered with j\" white Yitrolite with a border of ;'«" green 
Vitrolite. The panels are fixed with metal rosettes screwed into wood grounds, with a cushion 
of Gripon Mastic between the Vitrolite and the background, which has previously been treated 
with Gripon Sealer. The Vitrolite is supported on the external angles of the beams with a 
splayed metal angle section. 



TROLITE SPECIFICATIONS- 



CEMENT SCREED CONCRETE OR , 
TONGUED S GROOVED BOARDINI 




PLAN 

SCHEME No. I 



PLAN 

SCHEME No. 2 




CEMENT SCREED CONCRETE OR 




SHAPED VITROIITS WASHER A 
INTERSECTION 

WASMt* CORNERS 01 PANELS 
TO M NIPPED TO AUOW POR 
»ARREl 0» SCREW 



SECTION 
SCHEME No 3 



SECTION 
SCHEME No. A 



ALTERNATIVE METHODS OF FIXING VITROLITE CEILINGS 




CEILING ■ MESSRS. APLIN & BARRATT ■ BATTERSEA 



• SPECIF ICATION 



The lining to this ceiling is &* white Yitrolite 
position with stainless steel screws and metal ro< 
Mastic between the Yitrolite and the concrete 
Gripon Sealer. 



in 24"X24" squares. The Yitrolite is held in 
ttes to wood grounds with a cushion of Gripon 
filing which has previously been treated with 



MliClLlANfOUS 



HTROLITE" SPECIFICATION 



' STAYBRITE STEEL MOULDING 



| STAYBRITE STEEL 
COVER STRIP 



i : t 



VENTILATION SLOT IN " VITROLITE " 
STATBRITE STEEL HEARTH VITROLITE 
TO PASS DOWN BEHIND 



ELEVATION OF FIREPLACE 




DETAILS OF FIREPLACE SURROUND IN VITROLITE 
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HOUSE IN REGENT'S PARK ■ LONDON 



SPECIF ICATION 



ARCHITECT: E. FINDLAY SMITH 



The fireplace surround is of -fa" walnut Agate Vitrolite in 10" • 15" and 15" ■ 15" ashlars fixed 
with Gripon Mastic to a backing of Poilite flat sheeting. Stainless steel is used for the hearth, 
capping and segmental-section bands ; capping and bands give additional support to the 
Vitrolite, and a shelf in walnut Agate rests on the former. The flange of the fire is superimposed 
on the face of the Vitrolite and ventilation is obtained through a narrow slot immediately above 
the hearth. 
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HORIZONTAL SECTION 



DETAIL PLAN AND SECTION FOR TORQUAY SWIMMING BATHS 
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SWIMMING BATHS ■ TORQUAY 



• SPECIFIC AT ION 



P. W. LADMORE am, ce 
BOROUGH ENGINEER 



Balcony : The wall lining consists of alternate courses of £" primrose and pearl grey Vitrolite 
ashlars with relief in the form of ^" black and pearl grey Vitrolite bands. Two panel features 
in f e " eggshell Vitrolite ashlars between vertical black Vitrolite strips are bordered with pilasters 
of black Vitrolite with shaded sandblast flutes. 

Under Balcony : ft " pearl grey Vitrolite ashlars are fixed on the base with ft" primrose Vitrolite 
above. The panel features between the windows are in ft " eggshell Vitrolite with painted and 
fired sea waves, bordered with pilasters of black Vitrolite with shaded sandblast Mutes. 
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DETAIL SECTION THROUGH WALLING 



MISCELLANEOUS 




MERSEY TUNNEL 



tograph by courtesy of the Mersey Tunnel Joint Com: 



ARCHITECT: HERBERT J. ROWSE i 



• SPECIF ICAT ION 



Panels of { f " black Vitrolite line the walls of the tunnel to dado height. The Yitrolite is held 
in position by special metal cover strips as details shown on the opposite page. 
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UNDERGROUND SUBWAY ■ SCARBOROUGH 
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PRESSED VITROLITE LETTERS 
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FIXING INSTRUCTIONS 



vitrolite letters can be fixed to any flat surface, and are particularly suitable for use 
on a vitrolite fascia. 

The surface to which they are to be fixed must be clean and dry. The method of 
fixing is by special cement consisting of one part paste to two parts powder by weight 
or volume mixed well together to ensure a thorough blending. 

Brush the ribbed back of each letter and apply the fixing cement all over : press care- 
fully into position and clean off surplus cement round the edges of the letters with a 
putty knife. 

Allow about two hours for the cement to set before hoisting the fascia into position . 
Where letters have to be fixed to an existing fascia it is necessary to provide temporary 
support until the cement sets off — gummed paper tabs are suitable for this purpose. 
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TURQUOISE GREEN WEDGWOOD 
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GREEN AGATE 
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WALNUT AGATE 
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GOLDEN AGATE 
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